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Abstract: Peak load and wind energy emission pressure rise more as wind energy penetration keeps growing, which affects the stabilization of the PS (power system). This paper suggests integrated optimal dispatching of thermal power generators and BESS (battery energy storage system) taking wind energy emission grading punishment and deep peak clipping into consideration. Firstly, in order to minimize wind abandonment, a hierarchical wind abandonment penalty strategy based on fuzzy control is designed and introduced, and the optimal grid-connected power of wind energy is determined as a result of minimizing the peak cutting cost of the system. Secondly, considering BESS and thermal power, the management approach of BESS-assisted virtual peak clipping of thermal power generators is aimed at reducing the degree of deep peak clipping of thermal power generators and optimizing the output of thermal power generators and the charging and discharging power of BESS. Finally, Give an example of how this strategy has been effective in reducing abandonment rates by 0.66% and 7.46% individually for different wind penetration programs, and the daily average can reduce the peak clipping power output of thermal power generators by 42.97 and 72.31 MWh and enhances the effect and economy of system peak clipping.
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1  Introduction

The development of new energy is very important in China’s energy strategic layout. By 2020, China’s cumulative installed wind energy capacity is 281 million kilowatts [1]. Due to the randomness and inverse peaking characteristics of wind energy, the increase of wind energy permeability makes the peak-valley difference of load increase sharply, and the emission stresses increase abruptly, which seriously affects the normal operation of the power grid [2,3]. Therefore, peak clipping needs to be addressed for high-penetration wind energy systems. Easing the Peak Clipping Challenge, power grids have launched deep peak clipping of thermal power generators, but deep peak clipping will increase generator operating costs. The balanced relationship between decision economics and peak clipping performance is the key element determining the operation of generators [4,5].

BESS technology is characterized by quick reaction time and two-way regulation due to its own operational characteristics [6]. Currently, the study of BESS participating in peak control strategy has become a hot topic. Gupta et al. [7] have associated a combined system of wind energy generation and energy storage (ES) batteries to alleviate the pressure of peak clipping, aiming at the large-scale penetration of intermittent wind energy generation. Li et al. [8] optimized the combination of BESS and conventional peak clipping due to both technical and economic considerations. Sigrist et al. [9] set up the operating optimum model for centrally operated isolation systems and analyzed the benefits of BESS and evaluated the impact of peak shifting. Li et al. [10] offered a real-time power assignment approach on the basis of BESS to suppress the volatility of new energy. Kobla et al. [11] adopted a two-stage strategy set up by BESS, which enhanced the peak clipping and hill and valley infilling capacity of the power grid and energy quality. Zhu et al. [12] used BESS to smooth the power export in the generation sector, improving peak clipping capability and power regulation quality. Gimelli et al. [13] proposed an optimization control method for BESS-assisted cogeneration systems that provide peak clipping services. Yan et al. [14] proposed the peak regulation BESS control strategy with slack peak regulation bottleneck, which effectively increases the space of wind energy grid connection. Song et al. [15] suggested a home energy management system containing photovoltaic and BESS, which increased the peak-load capability and operation economy of the power grid. Wang et al. [16] proposed a dual time scale BESS peak clipping strategy, which reduces the fluctuation of net load and reduces the peak clipping pressure of the system. To enhance the peak clipping capacity of the PS, Liu et al. [17] conducted joint scheduling between BESS and thermal power generators to promote new energy absorption. Of the above references, most of them use BESS to engage in the peak clipping of the power grid, which is mainly used to suppress the fluctuation of new sources and enhance the peak clipping effect of the PS. However, there is a lack of consideration for BESS to assist in the deep peak clipping of thermal power generators, and there is still a serious problem of life loss of thermal power generators.

In addition, in the present case of the massive integration of wind energy into the grid, how to effectively absorb wind energy emissions has also become a major research issue. In the peak clipping of the joint operation of the thermal power generator and BESS, Chen et al. [18] proposed a thermal power generator and BESS coordination optimization strategy considering demand response and BESS life, with minimum net load as the upper objective to reduce wind abandonment rate. On the basis of the mathematical model of the optimal energy rejection rate, Ye et al. [19] added the wind energy absorption cost to enhance the wind energy absorption. Zhao et al. [20–22] enhanced the absorption of wind energy in the combined peaking of thermal power generators and BESS, introducing wind abandonment penalty cost into the objective function. Zhang et al. [23] addressed the problem of severe wind abandonment, designed a multi-objective strategy with minimum wind abandonment and minimum operating costs, and included the wind abandonment cost in total operating cost in the combined peak clipping strategy of thermal power generators and BESS in the above references. Considering the problem of wind energy absorption, the penalty cost model of wind energy abandonment is usually added to the model to enhance wind energy absorption. Nevertheless, the penalty cost model of wind energy emission is only multiplied by the amount of wind energy emission with a constant penalty factor. The wind energy emission grading punishment strategy proposed in this article is on the basis of fuzzy rules, comprehensively considering the load demand and the wind energy generating capability, and jointly determining the penalty gear factor of wind energy emission. The constraint on wind energy emission is strengthened, and the absorption is increased.

In summary, in response to the issue that frequent deep peak clipping of thermal power generators can affect their lifespan, a BESS-assisted deep peak clipping strategy has been proposed to reduce the degree of deep peak clipping of thermal power generators and enhance overall economy; In response to the current wind energy emission constraint that only uses the product of a constant penalty factor and wind energy output as the cost of wind abandonment punishment, a wind energy emission grading punishment strategy based on fuzzy rules and comprehensive consideration of load and wind energy throughput is proposed to better eliminate wind energy emission and enhance the competitiveness of wind turbine generators.

Section 2 of this paper first explores the impact of grid-connected high infiltration wind energy on peak shaving of the PS. and then establishes the economic model of PS operation in Section 3. On this basis, combined optimal dispatching of thermal power generators and BESS considering deep peak clipping and wind emission grading punishment is proposed in Section 4. In order to reduce wind abandonment effectively, a graded punishment strategy for wind abandonment is proposed. To enhance the operation economy of the PS, reduce the peak clipping degree of thermal power generators, and prolong their life cycle, the BESS and thermal power generators are regarded as the whole of peak clipping, and the BESS-assisted virtual peak clipping control strategy of thermal power generators is designed. Finally, Section 5 of the paper provides an example of the effectiveness of this strategy.

2  Effects of Wind Infiltration on Peak Load Regulation

The PS with high penetration wind energy includes thermal power plant, wind energy plant, BESS, power load, etc. The primary structure of PS is shown in Fig. 1.
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Figure 1: Primary structure of PS

Before the wind energy is joined to the grid, the load power demand Pload of the grid is all supplied by the thermal power PG, namely:

PG=Pload(1)

After the wind energy is joined to the grid, the grid load power demand Pload is jointly supplied by the thermal power PG and the wind energy Pwind, namely:

PG+Pwind=Pload(2)

In order to increase the utilization of clean energy, PS uses thermal power to supply residual load demand after wind energy, which is called the equivalent load Ploadeq, namely:

PG=Ploadeq=Pload−Pwind(3)

However, due to the obvious reverse peaking characteristics of wind energy, as wind penetration increases, this will make the peak regulation of the PS difficult. The schematic diagram of peak clipping of PS is shown in Fig. 2.
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Figure 2: Peak clipping diagram of PS

Wind power and load fluctuate in opposite trends, that is, wind energy tends to be lower when load demand is high and higher when load demand is low. From Fig. 2, it can be seen that the peak-to-valley difference of the grid equivalent load increases after the wind energy Pwind is connected to the grid from the original PC1 to PC2. In this way, during low load periods, thermal power generators need deep peak clipping operation. If the thermal power generators reach the lower limit of deep peak clipping output Pb cannot meet the peak clipping needs, energy emission will occur, and with the increase of wind energy permeability, this phenomenon will be more obvious.

BESS has the characteristics of power huff and puff. After auxiliary operation of thermal power generators, the peak clipping degree of thermal power generators is reduced from Pd1 to Pd2, to alleviate the peak clipping pressure of thermal power generators, namely:

PG+PBESS=Ploadeq(4)

where, PBESS is BESS charge and discharge power.

A well-designed control strategy not just effectively consumes wind energy, but also reduces the peak depth of thermal power generators, improve the initiative of thermal power companies to involve in peaking and enhance the economics of system peaking.

3  Economic Model of PS Operation

The economic modelling of the PS in the peak clipping process is composed of a cost model and a revenue model. This model formula is enhanced and perfected based on references [24,25]. The economic models of each part are established as follows.

3.1 Cost Model of Peak Clipping

(1) Cost model of peak clipping for thermal power generators

The cost of peak clipping for thermal generators is illustrated in Fig. 3. It can be observed from Fig. 3 that this is a piecewise function model. In the normal peaking phase, the peaking cost is the cost per generator of operating coal consumption, and it can be represented as the result of multiplying the amount of coal consumed by the price per unit of coal generator, as illustrated in the figure below:
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Figure 3: Cost of thermal power generator during peak load regulation

Ccoal,i,t(PG,i,t)=(aiPG,i,t2+biPG,i,t+ci)pcoal(5)

where, PG,i,t are the output of the i thermal power generator at time t; ai, bi, ci are the factors of the absorptive performance function of the i generator.

When the thermal power generator produces power above its minimum technical output and operates during the deep peaking phase, the deep peaking cost includes not just the coal consumption of the generator, but also the additional life loss cost of the generator and the oil injection cost, which need to be taken into account in the cost calculation. The generator life loss cost is calculated in the following way:

Closs,i,t=12αCcos⁡t,i/NG,i,t(6)

where, α is the actual operating depletion factor of the coal-fired power plant; Ccos⁡t,i is the cost of purchasing the i coal-fired power generator; NG,i,t is the number of rotor fracture cycles of the i generator at time t, which is relevant to PG,i,t of the thermal power generators.

When the thermal generator is in oil-filled deep peaking condition, its oil input cost is calculated as follows:

Coil,i,t=toil,iQoil,ipoil(7)

where, toil,i is the duration of peak clipping of the i thermal power generator; Qoil,i is the fuel absorption per generator time of the i coal-fired power generator; poil is current oil price.

In conclusion, the peaking cost model of the i thermal power generator can be written as follows:

CG,i,t(PG,i,t)={Ccoal,i,t(PG,i,t)PGmin≤PG,i,t≤PGmaxCcoal,i,t(PG,i,t)+Closs,i,tPa≤PG,i,t<PGminCcoal,i,t(PG,i,t)+Closs,i,t+Coil,i,tPb≤PG,i,t<Pa(8)

where, PGmax and PGmin individually represent the maximum and minimum thresholds of the conventional peak clipping output of thermal power generators; Pa and Pb represent the minimum limit of peak regulating output of deep peak regulating second stage thermal power generator and the lowest value of stable combustion output of third stage thermal power generator individually.

(2) Cost model of wind energy emission grading punishment

After introducing wind energy emission grading punishment gear factor, the punishment cost of emission due to the system’s peak clipping capacity limitation and unable to accept all the wind energy that is able to be generated is written as following:

Cw,t=(1+k⋅θt)pwind(Pwr,t−Pwa,t)ΔT(9)

where, θt is wind energy emission grading punishment gear factor; k is the motion range between adjacent gears (set according to the actual application); pwind is the penalty generator price of wind energy abandonment in PS; Pwr,t and Pwa,t represent wind power and grid-connected wind power individually; ΔT represents the time interval.

(3) Cost model of BESS operating

The ES system incur some operating cost when they are in operation, which is calculated as follows:

CBESS,t=Pprice,M⋅(PC,t+PD,t)ΔT(10)

where, Pprice,M is the generator price of ES system operating cost; PC,t is the charging power of the ES battery at time t; PD,t is the discharge power of the ES battery at time t.

3.2 Peaking Revenue Modelling

(1) Peaking compensation modelling for thermal power generators

Thermal power producers’ participation in grid peaking can be categorised into basic peaking and paid peaking. Basic peaking refers to the output regulation of thermal power generators in the PGmin to PGmax range. Deep peaking refers to the output regulation of thermal power generators exceeds the conventional free peak load reduction limit, and the compensation can be obtained by participating in the grid peak load reduction under this operating state, which is mainly related to the generation capacity lower than the basic peak load reduction. Peaking compensation income is calculated as following:

Icom,i,t(PG,i,t)={0PGmin≤PG,i,t≤PGmax(PGmin−PG,i,t)Δt⋅pcom1Pa≤PG,i,t<PGmin(PGmin−Pa)Δt⋅pcom1+(Pa−PG,i,t)Δt⋅pcom2Pb≤PG,i,t<Pa(11)

where, pcom1 and pcom2 are the compensation quotations applied by thermal power plants to the power grid individually when no oil is put in and deep peak clipping is put in.

The pricing mechanism for real-time deep peak clipping in the Northeast is shown in Table 1.
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(2) Income model of BESS electricity

BESS charges when electricity prices are low and discharges when prices are high to generate revenue. The electricity income is earned through the operation mode of ‘low storage and high generation’.

IBESS,t=(∑t=1kcPC,tΔT)phigh−(∑t=1kdPD,tΔT)plow(12)

where, phigh and plow are individually the peak price and valley price of the system; kc and kd are individually charging and discharging periods in one day.

If the power in BESS remains the same at the beginning of each day, that is, all the power charged in one day is discharged, the above formula can be arranged as follows:

IBESS,t=∑t=1kcPC,tΔT⋅(phighηcηdc−plow)(13)

where, ηc and ηdc are the charging and discharging efficiency of BESS individually.

(3) Income model of BESS environment

BESS operation can decrease the output of thermal power generators, thereby decreasing the emission of pollutant gases generated by coal burning, and has certain environmental income, the proceeds are as following:

Igas,t=∑Q=1Q[ηdc(PD,tΔT)ρQPprice,Q](14)

where, Q is the number of pollutants discharged by the generator set; ρQ is the emission density of the Q-th pollutant that generates a generator of electric energy; Pprice,Q is the generator emission cost of the Q-th pollutant.

(4) Income model of wind energy increasing

Given the combined effect of the wind emission rating penalty strategy and the BESS in the system, it will increase revenues from grid-connected wind energy generation, the proceeds are as following:

Iwind,t=pprice,t(Pwa,t−Pwa,t0)ΔT(15)

where, Pwa,t0 is the original On-grid wind power generation; Pwa,t is the On-grid wind power generation after considering the punishment of wind energy emission; pprice,t is the grid-connected price of wind energy.

4  Control Strategy Design

In order to effectively reduce wind emission, enhance the depth of thermal generator peaking, and enhance the economy of PS peaking, the joint optimal scheduling strategy of thermal power generator and BESS is designed considering the depth peaking and the classification penalty of wind energy wind emission.

4.1 Frame Structure

The frame structure of the combined optimal dispatch of thermal power generators and BESS considering deep peaking and wind energy emission grading punishment is shown in Fig. 4.
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Figure 4: Framework of combined optimal dispatch of thermal power generators and BESS

First of all, taking the minimum peak load cost as the goal, considering the power equation constraint of the PS and the operational constraint of the thermal power generator, the output Pgd of each thermal power generator and the optimal grid-connected power Pwa of wind energy are preliminarily determined, so as to achieve the effect of absorbing the grid wind abandonment.

Then, it considers the operation constraints of BESS and the thermal power generators, to enhance the efficiency using the characteristics of BESS to handle electric energy with the operation of thermal power generators, the goal of virtual peak clipping of thermal power generators can be achieved, more compensation benefits of deep peak clipping are obtained, to enhance the overall economy of peak clipping of PS.

4.2 Control Strategy

4.2.1 The Strategy of Wind Energy Emission Grading Punishment

To absorb the wind energy in the system more effectively, a hierarchical punishment strategy for wind curation is proposed. Based on the fuzzy rule and considering the load demand and wind energy capacity, the graded penalty factor θ is determined. The fuzzy reasoning model of the penalty gear factor θ for wind energy emission classification is shown in Fig. 5.
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Figure 5: Fuzzy inference model of wind energy emission grading punishment gear factor θ

The value rule of wind energy emission grading punishment gear factor θ is given: depending on the actual load conditions, the marginal power of high, medium and low loads is determined, and load requirements are categorised into high, medium and low loads. Similarly, depending on the actual situation of wind energy generation, the marginal power of high, medium and low loads is determined, and the wind energy generation can be split into high wind energy, medium wind energy and low wind energy, When load demand is high but wind capacity is low, wind energy should be captured to the fullest extent possible. In this case, the emission penalty for wind energy is supposed to be maximum, that is, the gear factor θ is the highest gear. When load demand is small and the wind energy generation capacity is big, to admit wind energy as possible, due to the constraints of real-time power balance of the system, a certain amount of wind emission will inevitably occur. In this case, the wind energy emission punishment should be the minimum, that is, the gear factor θ is the lowest gear. The fuzzy rules are presented as Table 2.
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According to the fuzzy rules in Table 2, the punishment factor θ of wind energy emission grading is determined. Considering the above economic models, such as the punishment cost of wind energy emission grading, the peaking cost of thermal power generators, the cost of BESS operating, the peak clipping compensation income of thermal power generators, the electricity income of BESS, environment income of BESS, revenue from grid-connected wind energy and so on, and targeting the minimum peak clipping cost of the system, as shown in the following formula, the output of each thermal power generator and the optimal grid-connected power of wind energy are determined by iterative method.

minF=∑t=1∑i=1CG,i,t+∑t=1Cw,t+∑t=1CBESS,t−(∑t=1∑i=1Icom,i,t+∑t=1IBESS,t+∑t=1Igas,t+∑t=1Iwind,t)(16)

4.2.2 BESS-Assisted Virtual Peak Clipping Strategy for Thermal Generators

This method mainly uses the characteristics of BESS and huff and puff to cooperate with thermal power generators, which not only reduce the degree and persistence of deep peak clipping of thermal power generators, but also earn peak clipping compensation income. The output rules are as follows.

The output curve Pgd of deep peaking generators obtained on the optimization in this grading punishment strategy for wind energy emission is analyzed, and the deep peaking power ED of generators within one day is calculated.

Pdeep,t={PGmin−Pgd,t(Pgd,t<PGmin)0(Pgd,t≥PGmin)(17)

ED=∑t=1Pdeep,tΔT(18)
where, Pdeep is the deep peaking power. BESS is used to cut the peak and fill the valley of Pgd, and BESS’s charge and discharge power PBESS is calculated.
Emax=Em⋅SOCmax−E0(19)

PBESS,t={Pb1−Pgd,t(Pgd,t<Pb1)0(other)Pb2−Pgd,t(Pb2<Pgd,t)(20)

Let Ef be the virtual peak clipping power and Ey be the remaining capacity space of BESS, which can be represented as shown in the following formula:

Ef=EmaxEy=0}(ED>Emax)Ef=EDEy=Emax−ED}(ED≤Emax)(21)

It can earn additional virtual peak clipping compensation income IBESScom IBESScom and BESS ‘low storage and high generation’s operation power income IBESS,t.

For different loads and wind energy conditions, there are three cases of deep peaking power ED of generators:

1) When Emax > ED > 0, it indicates that the generator is in a deep peaking phase. At this time, part of the output of BESS is employed for the purpose of assisting the virtual peaking of thermal power generators. The virtual peaking power Ef = ED and the remaining space capacity Ey = Emax − ED are used for ‘low storage and high generation’ peak clipping.

2) When ED > Emax, the full capacity of BESS is used to assist the virtual peak clipping of the generator, and the virtual peak clipping capacity is Ef = Emax.

3) When ED < 0, that is, the generator does not carry out deep peak clipping, the virtual peaking capacity is Ef = 0, and its full capacity space of BESS is used for ‘low storage and high generation’ peak clipping.

Taking the first case as an example, the virtual peak clipping diagram of the BESS auxiliary generator during periods of low load is shown in Fig. 6. Before peak clipping, the generator output is Pgd, and the deep peak clipping power is ΔPQ. After peaking, the generator output is Pgdf = PBESS + Pgd, and the deep peaking energy is 0.
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Figure 6: Deep peaking of thermal power generators assisted by BESS during periods of low load

4.3 Constraint Condition

The conventional constraints in the peaking process are as followed:

1) Power balance constraints

∑i=1PG,i+Pwa−PL=Pload(22)

PL=ρ(∑i=1PG,i+Pwa)(23)

ρ=AR×10−3120Uav2⋅1f+AR×10−330Uav2cos2⁡(φ)+ΔpA(24)

where, Pload is the load demand; PL is the total transmitted loss of the system; ρ is the line loss ratio, which is related with the system load factor [26]; f is the load factor; A is the total power absorption; R is the resistance of the power grid element; Uav is the line voltage converted to a certain voltage level; cos⁡(φ) is the power factor; Δp is the daily fixed power absorption.

2) Operational limitations of thermal power plants

Generator output constraints:

Pmax,i≥PG,i,t≥Pmin,i(25)

where, Pmax,i and Pmin,i are the biggest and smallest output of conventional peaking generator. i individually.

Generator reserve capacity constraints:

∑i=1Pmax,i−Pload≥Ps(26)

where, Ps is the total reserved capability of the generator in the system.

Generator standby ramp rate constraint:

Pup,i≥PG,i,t+1−PG,i,t≥Pdown,i(27)

where, Pup,i and Pdown,i are the maximum upward and downward climbing individually.

3) Operation constraints of BESS

BESS’s power, Electricity, SOC constraints:

Pm≥PBESS,t≥−Pm(28)

Emax≥Ec≥Ed(29)

SOCmax≥SOC≥SOCmin(30)

where, Pm is the rating of BESS; Em, Ec and Ed the nominal capacity, charging capacity and discharging capacity of BESS individually; SOCmax and SOCmin are the limits for BESS of SOC.

4.4 Model Solving Method

This article takes the minimum system peak clipping cost as the object to optimize the power of each thermal power generator, wind turbine generator, and BESS. On this method of solving the optimum goal, based on the MATLAB 2018b platform and using the traversal method for iterative solution.

Firstly, input initial data and determine the wind energy emission grading punishment gear factor at each time based on fuzzy rules; Then, under the operation constraints of thermal power generators, load balancing cost is calculated according to all possible output conditions, and the output f each generator is determined when the total cost of system peak load balancing is lowest. Finally, using the benefit of BESS auxiliary thermal power generator peaking depth, the cost of peak regulation is corrected. The specific solution process of the joint optimal scheduling model of thermal power generators and BESS considering the depth peak load balancing and the classification penalty of wind abandonment is shown in Fig. 7.
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Figure 7: Solving process of combined optimal dispatch of thermal power generators and BESS considering deep peaking and wind energy emission grading punishment

5  Results

5.1 Example Parameters

1) Thermal power generator

This article analyses and demonstrates the case of a local power grid in Northeast China, which has an instructed thermal PS with an installed capacity of 3700 MW. The generator composition and specifications are listed as Table 3.
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The boiler fuel of thermal power generator is coking coal, and the price is 685 yuan/t; The punishment cost of wind energy emission is 0.35 yuan/(kWh).

Two 600 MW generators can conduct deep peaking, and the relevant operating parameters of deep peaking are as follows: The oil absorption of the generator in the deep-peak clipping phase is 4.8 t/h, and current oil price is 6130 yuan/T; The operating loss factors of the generator in the deep-peak clipping phase without oil input and oil input depth are 1.2 and 1.5 individually.

2) ES system

In the calculation example, lithium iron phosphate battery with large-scale application is selected as the ES type. The generator price of power is 1500 yuan/kW, and the generator price of capability is 2500/(kWh). Two 600 MW generators capable of deep peak clipping are equipped with a set of 20 MW/100 MWh BESS, and its specific parameters are illustrated in Table 4.

[image: images]

BESS’s electricity revenue is realized through time-of-use electricity prices in the region, which are illustrated in Table 5 for each period of time.
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In addition, the BESS obtains environmental income by reducing thermal power output. The generator emission density and generator emission cost of pollutants of thermal power generators are illustrated in Table 6.

[image: images]

3) Simulation data

The maximum and minimum load values in this area are 3168.1 and 823.3 MW individually, Now, the penetration rate of wind energy in the region is 33.07%, and the installed capacity is 1048 MW. The load and wind profiles are shown at Fig. 8.
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Figure 8: Load and wind energy curve

5.2 Peak Clipping Scenario and Scheme Design

For the purpose of validating the rationality and effectiveness of the strategy suggested in this article, two wind energy infiltration programs and four peak load balancing scenarios are designed for comparative analysis, and the absorption level of economic and clean energy operation under different scenarios is analyzed, as shown below:

1) Peak clipping scenario:

Scenario I: The wind energy infiltration is 33.07%, which is the current penetration rate of wind energy in the region.

Scenario II: The wind energy infiltration is 40%.

2) Peak clipping scheme:

Scheme I: Do not consider wind energy emission grading punishment and do not include BESS.

Scheme II: Consider wind energy emission grading punishment and not including BESS.

Scheme III: Do not consider wind energy emission grading punishment, and BESS is shaving the peak and filling the valley on the grid side.

Scheme IV: Consider wind energy emission grading punishment, and virtual peak clipping strategy of BESS-assisted thermal generators, which is the strategy suggested in this paper.

5.3 Analysis of Peak Clipping Results under Two Wind Energy Infiltration

For the purpose of validating the rationality of the strategy suggested in this article, based on the example data in Section 5.1, the peaking scheme in this paper is used for modelling the power grid peaking considering two wind energy encroachment scenarios.

The marginal power of high, medium and low load is determined as 2800 and 2600 MW, the marginal power of high, medium and low load wind energy in Scenario I and Scenario II is determined as 700,400 and 800,500 MW individually. According to the value rule of wind energy emission grading punishment strategy, the grading punishment factor θ of wind energy emission under the two wind energy infiltration programs are shown in Appendix A and Appendix B individually.

The power accumulation diagram and BESS action of various types of generators and wind energy grid connected under Scenario I are shown in Figs. 9 and 10. The power accumulation diagram and BESS action of various types of generators and wind energy grid connected under Scenario II are shown in Figs. 11 and 12.
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Figure 9: Output of various types of generators and wind energy grid-connected power accumulation diagram in Scenario I
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Figure 10: BESS operation in Scenario I
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Figure 11: Output of various types of generators and wind energy grid-connected power accumulation diagram in Scenario II
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Figure 12: BESS operation in Scenario II

From Figs. 9 and 11, it is easy to see that the control strategy as proposed in this article can achieve the balance between supply and demand. and demand in each period of the PS by setting reasonable load and high and low marginal power of wind energy under two programs, and through the combined action of wind energy emission grading punishment strategy and BESS-assisted virtual peak clipping for thermal generators, the load supply and demand balance of PS can be realized at all times, and peak adjustment task can be completed based on satisfying the respective operation constraints.

From Figs. 10 and 12, the control strategy can ensure that SOC is in good condition.

In summary, under the two scenarios of wind energy penetration, the BESS can well assist the thermal power generator in virtual peak clipping, and the peak clipping effect is more obvious when the wind energy penetration is 40%.

5.4 Analysis of Operation Results of Various Peak Clipping Schemes

In addition, this paper also carries on the simulation analysis of four peak clipping schemes under two wind energy penetration scenarios.

(1) Analysis of wind energy emission

The wind energy emission after peak clipping under two wind energy penetration scenarios with four peak clipping schemes is shown in Figs. 13 and 14 individually.
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Figure 13: The wind energy emission after peak clipping of four schemes in Scenario I
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Figure 14: The wind energy emission after peak clipping of four schemes in Scenario II

It can be seen from Figs. 13 and 14 that for two different scenarios of wind energy penetration, relative to Scheme III, Scheme II and Scheme IV are adopted for PS peak clipping, which significantly enhances the absorption of wind energy emission in the system.

Moreover, the wind energy emission in the power grid often occurs in the valley loading periods of the day. At this time, the load demand is low, and wind energy is high. Due to the action of the wind energy emission grading punishment strategy, the wind energy emission grading punishment gear factor is relatively high, which enhances the initiative of deep peaking, thereby improving wind energy emission absorption.

After calculation, the wind energy emission rate is reduced by 0.66% when it is used for the wind energy penetration grid in Scenario I, and by 7.46% when it is applied to the wind energy penetration grid in Scenario II. As wind energy infiltration increases, control strategies can potentially enhance the wind energy absorption capacity.

(2) Output of deep peaking generator

The active power output of the deep peak regulating generator after peak regulation in two wind penetration scenarios is shown in Figs. 15 and 16 individually by adopting four peak regulation schemes.

[image: images]

Figure 15: Active power output of deep peak clipping generator in Scenario I
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Figure 16: Active power output of deep peak clipping generator in Scenario II

As can be seen from Figs. 15 and 16, due to the role of emission penalty strategy, the deep peak regulating generator of Scheme II and Scheme IV works in the peak regulation state of deep oil injection during the valley load period. Furthermore, due to the role of the virtual peaking strategy, the peak adjustment depth of the deep peak regulating generator in Scheme IV is significantly lower than that of Scheme II.

The active power output continuous curve of the deep peak regulating generator after peak adjustment in two wind energy scenarios is shown in Figs. 17 and 18 individually.

[image: images]

Figure 17: Output duration curve of deep peak clipping generator in Scenario I
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Figure 18: Output duration curve of deep peak clipping generator in Scenario II

As we can see from Figs. 17 and 18 that this strategy suggested in this article can decrease the degree of deep peak clipping of thermal power generators under both scenarios.

Based on the calculation, the first scheme can reduce the average daily peak-load generation of thermal power generators by 42.97 MW, and the second scheme can reduce the average daily peak-load generation of thermal power generators by 72.31 MW. This control strategy can efficiently enhance the depth of peaking, reduce generator loss and prolong generator service life.

(3) Economic analysis of peak clipping (generator: 10000 yuan)

Tables 7 and 8 show the daily average cost of the two scenarios after peak clipping with four peak clipping schemes.

[image: images]
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From Table 7, after the strategy of grading and punishing wind energy emissions is implemented, the wind energy emission punishment price increases with the gearing factor, resulting in the increase of wind energy emission punishment cost in Scheme II and Scheme IV, but the income of wind energy grid-connected power increases. Increase in thermal generation depth increases the cost of thermal generation depth. Due to the virtual peak clipping control strategy of BESS, the peaking cost of thermal power generators in Scheme IV is lower compared to Scheme II, and compensation revenue from deep peaking is also lower than that in Scheme II.

From Table 8, due to the high wind energy infiltration of the system, the most serious wind energy emission in Scheme I results into the highest punishment cost of wind energy emission. In Scheme IV, the wind energy emission classification penalty strategy not only greatly reduces the wind energy emission rate, but also enhances the enthusiasm of wind energy grid connection. Deep peaking of thermal power generators not only increases costs, but also obtains a certain peak clipping compensation income, and BESS assists its virtual peak clipping, which not only obtains the income of BESS operation, but also alleviates the degree of deep peaking of thermal power generators.

After calculation, the strategy in this paper can reduce the daily average system peak clipping cost by 0.064% in Scenario I and 1.58% in Scenario II.

In the context of the overall peaking economy of PS, the strategy raised can efficiently eliminate the wind energy emission and enhance the system economy, and the more obvious the effect is to enhance the system economy as wind energy infiltration increases.

6  Conclusion

For many problems brought by high penetration wind energy grid connection to peak clipping, A strategy is presented in this article of combined optimal dispatch of thermal power generators and BESS considering deep peaking and wind energy emission grading punishment. The simulation results can be concluded as follows:

(1) The strategy of wind energy emission grading punishment based on the fuzzy principle can reduce the emission rate by 0.66% in Scenario I, and 7.46% in Scenario II. The strategy can efficiently enhance the capacity of wind energy dissipation in the power grid.

(2) The proposed virtual peak clipping control strategy can reduce the daily average peak clipping power generation of thermal power generators by 42.97 MWh in Scenario I, and 72.31 MWh in Scenario II. The proposed control strategy can effectively reduce the deep peaking degree of thermal power generators, reduce the generator loss and prolong its service life.

(3) The proposed strategy in this article decreases the daily average system peak clipping cost by 0.064% in Scenario I and 1.58% in Scenario II. This strategy can not just valid y eliminate the wind energy emission, but also enhance the economy of system peak clipping. It performs well in both peak clipping technology and economy.
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Table 3: Specifications of thermal power generators

Number 1-2 3-7 8-12
Capacity/ MW 600 300 200
Minimum load/ MW 180 150 100
Minimum technical output 50% 50% 50%
Critical output of peak clipping with 40%/30% — —
minimum no oil input/oil input depth

a/(t/MW?) 0.0000169 0.0001307 0.0011241
b/(t/MW) 0.27601 0.23222 0.28730

c/t 11.46196 16.00726 4.07362






OEBPS/Images/table-8.png
Table 8: Cost of the system after peaking with four schemes in Scenario II

Expense type Cost of Cost of peak Income of Income of The total The total
punishment clipping for  peak clipping wind energy income of cost of
for wind thermal compensa-  increasing BESS peaking
energy power tion for operation shaving
emission generators thermal

power
generators

Scheme I 111.63 5153.04 0.00 0.00 0.00 5264.67

Scheme 11 89.46 5335.62 120.84 73.82 0.00 5230.42

Scheme III  108.32 5144.22 0.00 3.87 17.26 5231.41

Scheme IV~ 89.46 5304.61 105.3 73.82 33.68 5181.27
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Table 4: Specifications of BESS

BESS type Rated Rated power  Charge SOC range Initial Operating
capability MW discharge electricity cost
/MWh efficiency/% /MWh (yuan/kWh)
Lithium iron 100 20 0.9 0.1~0.9 10 0.05

phosphate
battery
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Table A: Grading punishment gear factor of wind energy emission in Scenario I

Ist day
Time 1 2 3 4 5 6 7 8 9 10 11 12
0 0 0 -1 -1 0 0 0 -1 0 0 2 3
Time 13 14 15 16 17 18 19 20 21 22 23 24
0 1 0 0 -1 0 0 0 -1 0 0 1 3
Time 25 26 27 28 29 30 31 32 33 34 35 36
0 0 0 0 2 0 0 0 0 0 0 2 2
Time 37 38 39 40 41 42 43 44 45 46 47 48
0 2 0 1 0 0 0 0 1 0 0 -1 0
Time 49 50 51 52 53 54 55 56 57 58 59 60
0 0 0 1 0 0 0 0 0 0 0 0 0
Time 61 62 63 64 65 66 67 68 69 70 71 72
0 0 0 0 0 0 0 0 0 0 0 -1 -1
Time 73 74 75 76 77 78 79 80 81 82 83 84
0 0 0 0 0 0 0 0 0 0 0 -1 0
Time 85 86 87 88 89 90 91 92 93 94 95 96
0 0 0 -1 0 0 0 1 0 0 0 1 0

2nd day
Time 1 2 3 4 5 6 7 8 9 10 11 12
0 0 0 0 0 1 0 -1 0 0 0 0 0
Time 13 14 15 16 17 18 19 20 21 22 23 24
0 0 0 2 0 2 0 -1 0 2 0 -1 0
Time 25 26 27 28 29 30 31 32 33 34 35 36
0 0 0 3 0 2 0 -1 0 -1 0 0 0
Time 37 38 39 40 41 42 43 44 45 46 47 48
0 0 0 3 0 0 0 1 0 0 0 3 0
Time 49 50 51 52 53 54 55 56 57 58 59 60
0 0 0 3 0 2 0 1 0 0 0 3 0
Time 61 62 63 64 65 66 67 68 69 70 71 72
0 0 0 1 0 1 0 0 0 0 0 3 0
Time 73 74 75 76 77 78 79 80 81 82 83 84
0 0 0 1 0 0 0 1 0 0 0 3 0
Time 85 86 87 88 89 90 91 92 93 94 95 96
0 0 0 3 0 1 0 1 0 0 0 3 0

3rd day
Time 1 2 3 4 5 6 7 8 9 10 11 12
0 0 0 3 0 1 0 0 0 -1 0 3 0
Time 13 14 15 16 17 18 19 20 21 22 23 24
0 0 0 3 0 1 0 1 0 -1 1 3 0
Time 25 26 27 28 29 30 31 32 33 34 35 36
0 0 0 3 0 1 0 -1 0 -1 2 2 0
Time 37 38 39 40 41 42 43 44 45 46 47 48
0 0 0 0 0 0 0 -1 0 0 2 1 0
Time 49 50 51 52 53 54 55 56 57 58 59 60
0 2 1 -1 0 0 0 0 0 -1 2 2 0
Time 61 62 63 64 65 66 67 68 69 70 71 72
0 1 2 -1 0 0 0 1 0 1 2 1 0
Time 73 74 75 76 77 78 79 80 81 82 83 84
0 0 0 0 0 0 0 0 0 0 1 1 0
Time 85 86 87 88 89 90 91 92 93 94 95 96
0 0 -1 0 0 0 0 0 0 0 0 3 0
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Table 7: Cost of the system after peak clipping with four schemes in Scenario |

Expense type Cost of Cost of peak Income of Income of The total The total
punishment  clipping for  peaking wind energy income of cost of
for wind thermal compensa-  increasing BESS peaking
energy power tion for operation shaving
emission generators thermal

power
generators

Scheme I 47.96 5296.54 0.00 0.00 0.00 5344.50

Scheme 11 49.17 5370.44 41.67 25.50 0.00 5352.44

Scheme III ~ 45.94 5287.26 0.00 4.04 14.76 5314.40

Scheme IV~ 49.17 5347.02 32.51 25.50 27.78 5310.40
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Table 1: The price mechanism of real-time deep peaking in Northeast China

Quotation gear Generator load rate  Quotation lower limit Quotation upper limit
(yuan/kWh) (yuan/kWh)

First gear 40%~50% 0 0.4

Second gear <40% 0.4 1






OEBPS/Images/EE_29722-fig-15.png
T T
L L
©
Lo
2 3
o
g
<
S )
7]
L
Al
=]
g o
3 <
<
@ <
© 8
o E
=
=
P Lo
m o
3
<
S
0 L <
N
o
o =
§
5
w1 o
—
F - ©
T T T T T o
=3 =3 =3 =3 =3 =3 =3
o = 0 o 0 =3 )
<t Al @ @ nM N —
MIA/un Suiaeys yead doop

30 mdino 1omod aAnOY





OEBPS/Images/EE_29722-fig-9.png
=

Unit output/M

1000

200MW units 300MW units
Girid connected power of wind power [l

- 600MW units and BESS
Load power






OEBPS/Images/table-6.png
Table 6: Generator emission density of pollutants and generator emission cost

Types of pollutants Emission density/(kg/(MWh)) Generator emission cost/(yuan/kg)
CO, 889.00 0.21
SO, 1.80 14.842

NOx 1.60 62.964
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Table 2: Fuzzy rules of wind energy emission grading punishment gear factor 6

Wind energy emission grading Load demand
punishment gear factor 6
High Medium Low
High wind energy +1 0 -1
Wind energy Medium wind energy +2 +1 0

Low wind energy +3 +2 +1
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Table B: Grading punishment gear factor of wind energy emission in Scenario 11

Ist day
Time 1 2 3 4 5 6 7 8 9 10 11 12
0 0 0 0 0 0 0 0 0 0 0 0 1
Time 13 14 15 16 17 18 19 20 21 22 23 24
0 0 0 0 0 0 0 0 0 0 0 0 1
Time 25 26 27 28 29 30 31 32 33 34 35 36
0 0 0 0 0 0 0 0 0 0 0 0 -1
Time 37 38 39 40 41 42 43 44 45 46 47 48
0 0 0 0 0 0 0 0 0 0 0 0 -1
Time 49 50 51 52 53 54 55 56 57 58 59 60
0 0 0 1 0 0 0 0 0 0 0 0 0
Time 61 62 63 64 65 66 67 68 69 70 71 72
0 0 0 1 0 0 0 0 0 0 0 0 0
Time 73 74 75 76 77 78 79 80 81 82 83 84
0 0 0 0 0 0 0 0 0 0 0 0 0
Time 85 86 87 88 89 90 91 92 93 94 95 96
0 0 0 0 0 0 0 0 0 0 0 2 0

2nd day
Time 1 2 3 4 5 6 7 8 9 10 11 12
0 0 0 -1 0 0 0 0 0 0 0 0 0
Time 13 14 15 16 17 18 19 20 21 22 23 24
0 0 0 -1 0 0 0 0 0 0 0 -1 0
Time 25 26 27 28 29 30 31 32 33 34 35 36
0 0 0 1 0 0 0 0 0 0 0 -1 0
Time 37 38 39 40 41 42 43 44 45 46 47 48
0 0 0 0 0 0 0 0 0 0 0 0 0
Time 49 50 51 52 53 54 55 56 57 58 59 60
0 0 0 1 0 0 0 1 0 0 0 1 0
Time 61 62 63 64 65 66 67 68 69 70 71 72
0 0 0 1 0 0 0 0 0 0 0 0 0
Time 73 74 75 76 77 78 79 80 81 82 83 84
0 0 0 0 0 0 0 -1 0 0 0 1 0
Time 85 86 87 88 89 90 91 92 93 94 95 96
0 0 0 1 0 0 0 -1 0 0 0 -1 0

3rd day
Time 1 2 3 4 5 6 7 8 9 10 11 12
0 0 0 0 0 0 0 0 0 0 0 -1 0
Time 13 14 15 16 17 18 19 20 21 22 23 24
0 0 0 1 0 0 0 -1 0 0 0 -1 0
Time 25 26 27 28 29 30 31 32 33 34 35 36
0 0 0 -1 0 0 0 0 0 0 0 -1 0
Time 37 38 39 40 41 42 43 44 45 46 47 48
0 0 0 -1 0 0 0 -1 0 0 0 -1 0
Time 49 50 51 52 53 54 55 56 57 58 59 60
0 0 0 -1 0 0 0 0 0 0 0 -1 0
Time 61 62 63 64 65 66 67 68 69 70 71 72
0 0 0 0 0 0 0 -1 0 0 0 0 0
Time 73 74 75 76 77 78 79 80 81 82 83 84
0 0 0 0 0 0 0 1 0 0 0 0 0
Time 85 86 87 88 89 90 91 92 93 94 95 96
0 0 0 0 0 0 0 0 0 0 0 -1 0
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Table 5: Time-of-use price of power grid

Parameter Valley price Peacetime price Peak price

Price/(yuan/kWh) 0.414 0.782 1.149

Time interval 23:00~7:00 7:00~8:00 8:00~11:00
11:00~18:00 18:00~23:00
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